representative of the plant area, the terrain, and the road-
ways, and he described the areas shown in the photographs
(Tr. 19-30).

Inspector Shanholtz confirmed that he issued the citatior
after finding that the quarry had nn established lockout
procedure for electrical equipment.  He stated that quarry
superintendent Burdette Fox advised him that the procedure
used at that time was to simply turn off the equipment and
shut the door to the switch house (Tr. 31).  Mr. Shanholtz
stated that during his inspection of January 7, 1986, no locks
were available or shown to him, and as far as he knew no pro-
visions were made to use locks.  The switch house contained
the electrical switch gear for the plant area, and it also
contained a partitioned-off control booth area from which the
plant was operated by means of "push button starts." The
switching gear consisted of standard electrical "square D"
manual switches (Tr. 32-34).

Mr. Shanholtz stated that when he returned to the mine
on February 26, 1986, on a follow-up inspection, he observed
an electrician working on some electrical cables by the
crusher area.  The system being worked on was a 480 volt
system, and no locks were being used.  The electrician
admitted that he had not locked out the equipment, and
Mr. Shanholtz stated that he personally observed the system
switches, and while there was a lock lying on top of the
electrical switch box which would fit the box, the lock was
not used to lock out the switch box (Tr. 35, 37).  Under
these circumstances, he issued a section 104(b) withdrawal
order, No. 2657191, and petitioner's counsel confirmed that
he did so because of the failure by the respondent to timely
abate the previously issued citation of January 7, 1986 (Tr.
36).

Mr. Shanholtz was 'of 'the opinion that it was highly
likely that the failure to have a lock-out procedure or to
lock out the equipment would result in an accident.  His opin
ion was based on the fact that there were other employees in
the area and the electrical switch was not locked out.  With
480 bolts, one person would be exposed to a fatal injury or
accident (Tr. 38).  Mr. Shanholtz stated further that he was
aware of one accident which occurred after the citation was
issued, during the summer of 1986, when the superintendent
was working on some electrical switches and came into contact
with some energized switch components and the resulting flash
or arc caused burns to his face and hands.  This incident
involved the same switch house (Tr. 39).
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